DOWN TO CIRCUIT BREAKER 
#32-2. SEE SCHEDULE 
ON THIS DRAWING FOR 
FEEDER SIZE 


SEE RISER 0W6 £-9 
AND OWC E-3 FOR 
CONTINUATION. 
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1#4/0 TO BWLDlNC 
GROUND RISER 

REROUTE EXIST. CONDUITS 
AROUND CABLE TAP BOX 


SPUCE BOX 
(TYPICAL). 


ROUTE CONDUITS 
THRU STEEL TRUSS 


DOWN TO ORCUfT BREAKER 
132-3. SEE SCHEDULE 
THIS DRAWING FOR 
FEEDER SIZE 

DOWN TO CIRCUIT BREAKER 
'32-1. SEE SCHEDULE 
THIS DRAWING FOR 
FEEDER SOE 
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EXISTING 120/2O8V 
BUSWAY TO REMAIN 

EXIST. PANELBOARD 
TO REMAIN (TYP) 

2000A COPPER BUSWAY. 
SEE GENERAL NOTE #7, 
DWG E-t. 

(8) CONDUfTS 
TO REMAIN 

REROUTE EXIST. CONDUITS 
AROUNO CABLE TAP BOX 


EXIST SPRINKLER 
MAIN TO REMAIN 


CABLE TAP BOX. 


32 NORTH PLAN 


MOTES- 

1. TRACE ROUTING & EQUIPMENT OF ALL RELOCATED CONDUITS 
PRIOR TO CUTTING. 
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REMOVE 2 EXIST PLUG-IN 
OtSC. SWITCHES & RE-INSTALL 
AFTER COMPLETION OF ELECTRIC 
CLOSET WORK. 


EXISTING 1600A 
BUSWAY TO REMAIN. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CSUNG AREA 
TYPE ' 



HOLLOW BUSWAY 
ENCLOSURE TO ATTACH TO 
EXISTING BUSWAY FOR 
STRUCTURAL SUPPORT. 
CAP EXISTING BUSWAY. 

ULTHJZE EXISTING BUSWAY 
FLOOR SUPPORT. 


Mrt floor. 


1. SEE DRAWING E-1 FOR GENERAL NOTES AND BUSWAY SCHEDULE. 


CEILING 
CONSTRUCTION 

SHEETROCK 


EXISTING 
DOOR 

TO EXISTING 
LIGHTING PANEL. 


CAP BUSWAY 

DISCONNECT * REMOVE EXISTING 
PLUG-IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CJRCWT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
OWC). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

TO TENANT SPACE PANEL 


TO EXIST DISTRIBUTION PANEL. 
»fKJ FLOOR 
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EXIST. SW. 
SIZE 

EXIST. FUSE 
RATING 

NEW BREAKER 
RATING 

NEW 

NEW 

REMARKS 

32-1 

20OA 

123A 

22SAF/12SAT 

4#1 CU 

i Var 


32-2 

20OA 

200A 

225AF/200AT 

4#3/0 CU 
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32-3 

200A 

12SA 

229AF/129AT 

4#1 CU 

1 Vr 
























TRANSITION BOX 

160OA. 4SO/277V 
ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSDUCT. 


SEE GENERAL 

NOTE #9, DWG E-1. 


.REMOVE EXISTING PLUG-IN SWITCHES 
FROM EXISTING BUSWAY * REINSTALL 
AFTER INSTALLATION OF REPLACEMENT 
BUSWAY. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 

-REMOVE EXISTING 16O0A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 * 14 DWG E-1. 


■EXIST 16O0A BUSWAY 
TO REMAIN (TYP) 
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EXISTING SPRINKLER- 
HEAD TO REMAIN 



S= 


f 


FIXTURE 


-RELOCATE LX5HT 
FIXTURE. 


TO REMA.'N 


RELOCATED FIXTURE. 
EXTEND EXET?NG 
CtRCUITING AS 
REQUIRED. 


G5523 


SHAFT & 
ELEC. CL 
AREAS 


32 NORTH - LIGHTING PLAN 


NOTES: 

1. COORDINATE WITH ARCHITECT FOR EXACT LOCATION OF RELOCATED UCHT FIXTURES. 

2. COORDINATE LOCATION OF FIXTURES WITH MECHANICAL DUCTS A STRUCTURAL 
TRUSS ABOVE. 
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